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STROBE CKCUrr/LOADMG TABLE 
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CIRCUIT 
(AUP3) 

CKCUCT 
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GRAND TOTAL 
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SPEAKER ORCUT/LOADWG TABLE 
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db 
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la 
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5 WC STANDBY GENERATOR BULKHEAD 
FIRE ALARM AND SECURITY SYSTEM 


ELECTRIC 


CARD READER 
ANO INTERCOM 
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INTERCOM STATION 


security alarm 
control panel - 


it 
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CD 
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■ TYPE OF CABLE 
2 #14 AWC. 20CC. 600V SWCLDED TW5TED PAIR TEFLON 
CABLE. CLASS X' 4 BSA APPROVEO N.Y.C. FOR LOCAL LAW #5. 

2 #14 AWC. 20CTC. 600V UNSWELDEO TWISTED PAIR TEFLON CABLE. 
CLASS *E" /NO BSA APPROVED N.Y.C. FOR LOCAL LAW #5. 


ALO LOOP DEUCE ADDRESS; FIRST THREE DOT REPRESENT NETWORK/LOOP 
ADDRESS (AS DIRECTED BY ENCMEER). AND LAST THREE DtGIT REPRESENT 
DEUCE ADDRESS. 

FLUSHED MOUNTED STROBE WHEHOCK, CANDELA RADNC AS INDICATED. 

MODEL | AND ORDER AS FOLLOWS: 

15c<J - RSS-2415W-FR 

30«f - RSS-2430W-FR 

7UA - RSS-2475W-FR 

NO SUBSTITUTIONS, 

POLARIZED ELECTRONIC HORN PYROTRCNSCS MODEL SEA- 3. NO SUBSTITUTIONS. 

ADDRESSABLE PULL STATION. PYROTRONJCS MODEL #MS1-CS2 METAL. 
SURFACE MOUNTED, BACKBOX MS-SB CLASS E VffTH NYC WHITE STRP. 
NO SUBSTITUTIONS. FURNISHED BY PORT AUTHORITY. 

WALL MOUNTED SQUARE SPEAKER. WKEELOCK MODEL /'70-R 
WITHOUT SUBSTTTOTION. TAP SETTING AS INOCATEO. 
WITH BACK BOX #S88 

ADDRESSABLE IONIZATION KCH VELOCITY SMOKE DETECTOR PYROTROfOCS 
MODEL JFP-1 1 WITH BASE #08-1 1. NO SU8S7ITUTI0NS. FURNISHED AND 
INSTALLED BY CONTRACTOR. 

OPEN AREA HEAT DETECTOR - RATE COMPENSATION - 200T PYROTRONlCS 
MOOEL #0r-2OOCU NO SUBSTITUTIONS. FURNISHED AND INSTALLED BY 
CONTRACTOR. 

PYROTROMCS MODEL TH-B60 DUAL ADDRESSABLE INTERFACE SWITCH MODULE 
MOUNTED H f x f » 4" PULL80X. FURNISHED AND INSTALLED BY CONTRACTOR. 

END OF USE (1/2 WATT 24K U.O.N.) RESISTOR. FURNtSHEO JHO INSTALLED 
BY CONTRACTOR. 

SQUARE PULL BOX 4 11/15" - UNLESS OTHERWISE NOTED. 
EXISTING TERMINAL STRIP CASKET 
EXISTING ADDRESSABLE TERMINAL CABINET 


FIRE n/m (FA) WTES; 


1. ALL FIRE ALARM CABLES SHALL BE TYPE FPLP-UL TWSTEO PAS #14 

FOR. 


GAUGE SOUD COPPER (fJAJQ, 20CC. 500V. SHIELDED (EXCEPT rvn 
SPEAKERS WHICH USE UNSKELOED). INSULATED CONOUCTOSS CLASS *E* 
SSA AND MEA APPROVEO FOR NYC LOCAL LAW #5 FEP (TEFLON OR 
APPROVED EQUAL) INSUWON. AND CONDUCTORS COLORED BLACK AND 
RE^. ALL CABLES TO 6E FURNISHED AND INSTALLED BY THE CONTRACTOR. 

2. ALL CONDUCTS SHALL BE R>G* STEEL. HOT OPPtlO GALVANIZED WTH 

tkreadeo nrrwcs, unless otherwise noted. 

3. ALL RACEWAY, ENCLOSURES AND BOXES SHALL BC GROUNDED M AN APPROVED 
MANNER. 

4. CROWD BUSHNC SHALL BE 1NSTAUE0 ON ALL CONDUITS PEnETRaTINC 
ENCLOSURES. 

5. ALL PENETRATIONS MADE Bi EXISTING FIRE MRU EQUIPMENT SHALL BE MADE 
IN PRESENCE OF THE ENGINEER. 

6. SHAPING AND LABELING OF CABLES AT INTERFACE. XNET, TSC. ATC AND NTC 
CABOJETS WiL BE PERFORMED BY THE CONTRACTOR. T»S WO«K SHALL BC DONE 
IN PRESENCE OF THE ENGINEER. FINAL CONNECTIONS TO INTERFACE. XNET, TSC 
ATC AND NTC CABINETS KLL BE MADE BY OTHERS. 

7. PATCH AND SEAL ALL CONOWTS PASSWC THRU WALLS. FIRE RATED CONSTRUCTION 
AND PLENUMS WITH THERMAflBER OR IPCC FLAME-SAFE. 

8. TEST ALL REELS OF FtftE ALARM CABLE FOR CONTINUITY AND SHORTS. PRIOR TO 
INSTALLATION. 

9. CONTRACTOR SHALL USE BRADY LABELS fAML-20S-292-1 FOR LABELING OF ALL 
CONSUCTORS, 

10. ALL BOX COVERS, CONOULET COVERS. ETC. SHALL BE PAINTED RED. USE 2" 
STENOL AND WHITE PAWT ON ALL COVERS KOlCATiNC "5* FOR 5 WTC SYSTEM 
DESIGNATION. 

1 1. CONTRACTOR SHALL PERFORM PROGRAMMING OF ALL ADDRESSABLE DEVICES, FINAL 
CONFIGURATION OF ADDRESSES SHALL BE AS DtftECTEO BY THE ENCWEER. PRIOR 
TO PR0CRAMM1NC OEVKES. 

12. FINAL CONNECTIONS TO THE BULKHEAD FtftE ALARM ANO TSC WILL BE MADE BY 
OTHERS. CONTRACTOR TO LEAVE 5' COIL OF CABLE INSIDE THE TSC CABINET. THIS 
WORK SHALL BE DONE IN PRESENCE OF THE ENGINEER. 


DOOR ALARM DEVICE LOCATION 
TYPICAL FOR 2 
fcMPTY CONDUIT ONLY) 

HOY TO SCALE 


SECURITY H/fM NOTES; 

51. FOR GENERAL MOTES AND SYMBOL UST SEE DRAW9» EO-01. 

52. ALL SECURITY RACEWAY MSTAUAT10N SHALL EC COORDKATED WITH THE PA. 

53. CONTRACTOR TO CBTAM FROM THE PX DEVICE OUTLET BOXES FOR VARIOUS TYPE 
OF SECURITY DCVKES. DCWCE OUTLET SHALL MEET TK* REOUREMENTS OF DEVICE 
TO BE HSTAUED. 

54. ELECTRICAL CONTRACTOR SHALL FURNISH ANO INSTALL ALL EMPTY CONDUITS WITH 
DRAG WIRE. TERMINATE ALL COWXJTS AT DEVICE OUTLET BOXES. CORROWTE LOCATIOH 
WITH NSTALLADON CKAWWC? TYPICAL FOR ALL DEVICES. 

55. TERISUTE EMPTY CONDUCT AT LOCXTDN OF OUTLET BOX. PROXrWftY READER OUTLET 
BOXfMC) LOCATION AT 3F AFF. ROUTE CONDUCT TO AUCTION BOX ABOVE DOOR. 

56. TERMINATE EMPTY CONDUCT AT LOCATIOH OF OUTLET SOX. MTERCOU STATION OUTLET 
BOX(NK) LOCATION AT OCT AFF. ROUIE CONDUCT TO JUNCTION SOX ABOVE DOOR. 


US CUSTOMS I | ' i 

t--X^I_Jj*jl, 



!£rt£SYCEHT^THATTHSBAT^AKOCaff«C 
C )PY Cf C«« OF THE CONTRACT WJWCS^CW ^ 
J TTUTWGAPARTOF C0mTWTKX|(75-SaS^ / 
[ THE FORM IN WCCH SAD DRAWWCK EXStSS A 
7 S TtUE THE SA» CONTRACT WAS EXECUTED ff , 
1 i£ PARTES. 


w 52 « 
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